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AERE (16) in WSD 3318/50 Pt. 7 AE 2829 5898 
KRR ML: 2824 0578 
Your ref. Fax. 


11 September 2019 
Distribution: To all Licensed Plumbers and Authorized Persons 
Dear Sirs, 


Circular Letter No. 8/2019 
Penalty and Demerit Point System for Managing the Performance of 
Licensed Plumbers 


The Point Penalty System (PPS) for managing the performance of licensed 
plumbers (LPs) is promulgated in WSD Circular Letter No. 8/2015 which has been 
subsumed into Section 4.3.3 and 4.3.5 of the ‘Guide to Application for Water Supply’. 
The Water Authority (WA) has recently conducted a review and recommended a new 
Penalty and Demerit Point System (PDPS) to replace the current PPS to enhance the 
performance management of licensed plumbers. The Water Supplies Department 
(WSD) has consulted the Advisory Board on Licensing of Plumbers and the Technical 
Committee on Plumbing on the implementation of PDPS. The PDPS will be effective 
and implemented for all interim, re-inspections or final inspections! (“inspection”) of 
plumbing works to be carried out by the WA on or after 1 October 2019 with the use 
of the revised inspection checklists and Form WWO 1008. For Form WWO 1008 
issued before 1 October 2019 under PPS, same Form WWO 1008 can be used for re- 
inspection if it is to be carried out on and after 1 October 2019. The WSD Circular 
Letter No. 8/2015 is hereby superseded by this circular letter and will cease to effect on 
or after 1 October 2019. 





' The PDPS is also applicable to inspections for plumbing works which have joined the Scheme on Voluntary 
Submission of Inspection Checklist in Section 4.3.6 of the Guide to Application for Water Supply. However, 
it is not applicable to Random Inspection of New Plumbing Works during Construction Stage in Section 8 of 


the Guide to Application for Water Supply. 
n | se 


a 


Operation of PDPS 


2: Under the PDPS, defects found and recorded in an inspection will be 


categorized into two types: (a) contravention of Waterworks Ordinance (WWO) / 


Waterworks Regulations (WWR) and (b) non-compliance with WA’s requirements. As 
such, the Form WWO 1008 will include two parts (i.e. Part A and Part B). Part A is for 


plumbing defects in contravention of WWO/WWR, whereas Part B is for plumbing 
defects not in compliance with the WA’s requirements. For each inspection, penalty 
points will be given for contravention of the WWO/WWR (defects in Part A) and 
demerit points will be given for non-compliance with WA’s requirements (defects in 





Part B) as identified during the inspection. 


3. During an inspection of the completed plumbing works, the findings of the 
inspection will be recorded in the inspection checklist at Appendix 1 and photos will 
be taken on contravention of the WWO / WWR and non-compliance with the WA’s 
requirements. Contravention of the WWO / WWR and non-compliance with the WA’s 
requirements identified in the inspection will be brought to the attention of the 
responsible LP or his representative who has attended the inspection. The responsible 
LP (or his representative in his absence) is required to sign on the completed checklists 
recording the findings of the inspection. 


4. For any contravention of the WWO / WWR or non-compliance with the WA’s 
requirements recorded in the checklists, it will be marked against the relevant item in 
Part A or Part B of the Form WWO 1008 at Appendix 2. Penalty points or demerit 
points will be assigned to contravention or non-compliance respectively under the 
relevant items according to their seriousness. The completed Form WWO 1008 and the 
inspection checklists (without inspection photos) will be despatched to the responsible 
LP to formally notify him of the result of the inspection including any contravention of 
the WWO / WWR or non-compliance with the WA’s requirements for his rectification 
within 5 working days after the inspection. 


Mechanism for Triggering Deliberation of Suspension / Cancellation of a 
Plumber’s Licence under PDPS 


5. A warning letter signed by the WA or his representative will be issued to the 
responsible LP when one of the following criteria is met in an inspection of completed 
plumbing works: 

(i) penalty points >=10; or 

(11) penalty points >0 but <10 and demerit points >= 20. 


6. When a LP received two warning letters within a period of 12 months (counted 
based on the dates of the warning letters), the Licensing Authority (LA) will initiate the 
procedures to deliberate if the plumber’s licence should be suspended or cancelled. In 
deliberating the suspension/cancellation of a plumber’s licence, only contravention of 
the WWO/WWR will be considered. 


7. Before taking disciplinary actions on a LP including suspension / cancellation 
of his/her plumber’s licence, the LA will consult the Advisory Board on Licensing of 
Plumbers. It should be noted that the PDPS should in no way restrict the LA from 
exercising his power under Reg. 37(1) & (2) of the WWR to cancel or suspend a 


plumber’s licence. 
More Stringent Interim Inspections for Under-performed LPs 


8. The LA will make an assessment of the performance of each LP in January 
every year based on the total penalty and demerit points received by him/her under the 
PDPS for the plumbing projects completed? in the previous year. One penalty point 
will be commuted as 2 demerit points for the purpose of the performance assessment. 
A LP who has received an annual average total demerit points (including the demerit 
points and demerit points commuted from penalty points) of 18 or above will be 
regarded as an under-performer. All the plumbing projects of the under-performed LP 
in that year will be subject to a higher sampling rate (i.e. double the normal sampling 
rates) of completed plumbing works during interim inspections by the WA. The criteria 
of under-performers will be subject to regular review. The assessment of the 
performance of LPs will commence on the inspection of plumbing projects carried out 
on or after 1 January 2020. For assessment of Year 2020, the LA will work out the 
average total demerit points of LPs based on the above methodology in January 2021. 


9, The annual average total demerit points as mentioned in paragraph 8 is only 
applicable to the performance assessment. It will not be made for triggering 
deliberation of suspension/cancellation of licence as mentioned in paragraphs 5 — 7 
above. 


Worked Examples under the PDPS 


2 A project is defined as the works under an approved plumbing proposal and undertaken by the LP as covered 
and specified in a Form WWO 46. The project is completed when Form WWO 46 Part V(a) for the final 
inspection is issued. 
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10. Worked examples to demonstrate the operation of PDPS in respect of the 
criteria to issue warning letter and the commutation of penalty points as demerit point 
for assessment of LP’s performance are provided in Appendix 3 and Appendix 4 
respectively. 


Enquiry 


11. Should you have any enquiry, please contact our Team Leader/Technical 
Support at telephone no. 3109 7479. 


Yours faithfully, 


(Original Signed) 


(CHEUNG Yip Kui, Rico) 
for Water Authority 


Encl. 
(with Chinese translation) 


c.c. 

Housing Department (Attn: SM/QM) 

Buildings Department 

Architectural Services Department 

Fire Services Department 

The Hong Kong Housing Society 

The Hong Kong Institute of Architects 

The Hong Kong Institution of Engineers 

The Hong Kong Institute of Surveyors 

The Chartered Institute of Plumbing and Heating Engineering — Hong Kong Branch 
Hong Kong Plumbing and Sanitary Ware Trade Association Ltd. 

Hong Kong Licensed Plumbing Professionals Association Ltd. 

Hong Kong Plumbing General Union 

Hong Kong Water Works Professionals Association Ltd. 

The Hong Kong Institution of Plumbing and Drainage Ltd. 

Plumbing Technology Student Association 

The Association of Registered Fire Service Installation Contractors of Hong Kong 
Limited 

Real Estate Developers Association of Hong Kong 

Hong Kong Institute of Vocational Education 

Construction Industry Council 

The Hong Kong Construction Association, Ltd 

Hong Kong General Building Contractors Association Ltd 

The Hong Kong Federation of Electrical & Mechanical Contractors Ltd 
Contractor’s Authorised Signatory Association Ltd 
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Registered Minor Works Contractor Signatory Association Ltd 

Hong Kong Registered Contractors Association Company Ltd 

Building Services Operation and Maintenance Executives Society 

The Hong Kong Air Conditioning and Refrigeration Association Ltd 

Hong Kong Licensed Plumbers Union Limited 

Li Ka Shing Institute of Professional and Continuing Education, The Open University 
of Hong Kong 

The Association of Electrical and Mechanical Engineering (Hong Kong) Ltd 


WSD 3318/15/81 


Appendix 1 





General Information —fg@t} 


Date of Inspection #2 H Hy: 





Inspection Checklist #122358 


(Section A) (Azp)| 





Premises Address pi Frith: 








Name of Licensed Plumber #¢ht7ciee fea: 4: 





Plumber's Licen 


ce Number 7K if: Fr hi ESERE: 





Serial Number of Form WW 046 32#&§WW O46 45952: 





Inspection Type (please tick) R25 (551): 














Final Inspection RAR 














Interim Inspection p HARZ 

















Re-inspection 





MAR 





Type of Plumbing Works 7k TR] : ( ja 




































































Penaltı Defects/irregularities found? (please tick) 7 
i B Point? RATARI REZA? (BH) (FW. TL ES) nN Defects/irregularities (Please specify the extent and| Details of Inspected Location aa Noni Photo Taken 
Contravention of WWO / WWR or Non-compliance Demerit "gl details of defects/irregularities, if any) (refers code below, if applicable) available) fá (YIN) Remarks {št 
Type with WA's Requirements Point Yes No Not Applicable (EK ERIK NEE FEMMFLEZRWA > MATRA TS CARMENA ATR SES (DATERES > DRA HA 
El E OK BARB) | COKER) R Hat Æ & TAA *) 5 SVR) > 407A) WAH) (E DRA ) 
FRAKA ER Way 
(1) Pipe size less than minimum permissible size P 
KERFERRE 
(2) Not bitumen painted or hessian / other 
suitable material wrapped P 
RE STE ERT Aea Ps} 
(3) A bend or curve made in any pipe that will 
diminish the waterway or alter the internal 
diameter of the pipe P 
7S LA RE M MS FESR 
(A) Piping BAREK 
(including all 
pipes and |(4) Used / covered up prior to inspection P 
fittings, and ERRAI (EFA? 
connection 
pipe) (5) Pipe/fittings made of material not allowed or 
E not complied with the prescribed standard 
(TERE DEE EREEREER | P 
SHEE ME e 
PER) 
(6) Leaded solder used for jointing pipes and 
fittings@ P 
(7) Not of the materials already accepted by the 
Water Authority (WA) in WWO 1149 D 
ÉJEEWWO114948 AK ES EE E CRI 
(8) Connection pipes not of the sizes or at the 
position already accepted by the WA D 
FRIRE ÝJI KP REDRAR TSE 



































(© Construction Supply 
Photos should be taken on 


vention of WWO/WWR item is found, the Li 


aN 


s / irregularities AUB G BERRI 





llation or suspension of the plumber's licence. 





(g) master m 


(m) communal riser pipe 4 












h) chec 











(c) roof tank 





(i) meter position 7k 








(d) intermedi 








C) master 











(€) break pre: 








(K) meter 


(9) cleansing supply points 

















(1) meter cabi 


ical, please specifys EMA 





(1) hydrant, hose r 

















(s) other location fth 














ASN FRG aha 


f: 








WSD Inspection Staff KHF RZAA 


Signature %4 : 
Name #£% : 


Post ifix © 
Date AHA : 








Licensed Plumber ##h#7K0f: FF 


Signature 4% : 


Name ¥£% : 
Plumber's Licence No. 
KERE RR ENS : 
Date 8H : 











Appendix 1 





General Information —jg e} 


Date of Inspection #22 H HH: 





Inspection Checklist HZA E 
(Section B) (BZ) | 





Premises Address j# ffit: 





Name of Licensed Plumber 4h 7Kie 44: 





Plumber's Licence Number 7K" JT higa 


EnS: 








Serial Number of Form WW046 32#&§WW O46 2955/5: 





Inspection Type (please tick) 23571] (345): 





Final Inspection #427412 Oo 





Interim Inspection p HRR 











Re-inspection 











Type of Plumbing Works 7K T235] : ( i 8 























Defects/irregularities found? (please tick) 
A B Penalty 7 
Point / BRARARMIARE Zw? (HS) (Fw, Rien A Defects/irregularities (Please specify the extent and| Details of Inspected Location eins ea Photo Taken 
Contravention of WWO / WWR or Non-compliance with | Demerit HI details of defects/irregularities, if any) (refers code below, if applicable) avaliable) s (YIN) R i P 
Type WA's Requirements Point Yes No Not Applicable |e. som x pyte PERM FEU ZRUOA TREE | RRS IRR e pagg | ZIMA ens ae 
bagi 3 CK BTERBI) | COKER) R Hay Æ E TRA *) oe ShRRAS) > 9A) WANE) (ANRA) 
ARE SAE RENAK Waa 
(1A) Meter position / check meter position not at 
suitable height above the floor level D 
RRISE LAE Ai WS te LA EASA E aE 
(1B) Meter installed in a landscape area with a clear 
working headroom less than 2m D 
BRS ATES AKG HEEE ERED 
(1C) Meters not arranged in groups and housed in 
meter rooms / boxes / cabinet / chamber D 
ARBRE HET A EBEKRE EEEE 
(2) Meter room / box not located at the hoarding 
recess area of the construction site D 
(B) Meter | #57 NISAAR SETE EEIE 
Position / 
Check Meter |(3) No loose jumper stopcock at inlet side of the meter 5 
Position Jk $8 Ak wath KEE 
Heli fae HSE AL 
(4) Working clearance at check meter position not 
meeting the minimum requirement D 
BRU FAL AY LEER Be Be (BER 
(5) No non-return valve provided on the delivery side 
of the meter D 
IKER 7K ORY — Ft) LE IE Se 
(6) No fullway gate valve provided before meter 
position D 
KERRO I 
(7) Meter room/meter cabinet not satisfying the 
architectural requirements D 



































KENKREA ER EREK 


























(€) Construction S 
Photos should 










on or suspension of the plumber's licence. 








ster meter position 





























lease specify EIA 





> ITE > VKE 
































WSD Inspection Staff *KISBRRA A 


Signature #4 : 
Name #£% : 


Post Stir : 
Date AH: 


Licensed Plumber #702 FE 


Signature B4& : 


Name #£% : 


Plumber's Licence No, 


ZR OR EE SHEE: 


Date AHH : 
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General Information —{& #5} Inspection Checklist #12274 # 
Date of Inspection #322 H #8: (Section C) (CÈ) 
Premises Address aif Stitt: 
Name of Licensed Plumber {HiK E: 
Plumber's Licence Number 7k FE RES Hens: 
Serial Number of Form WW 046 #2#W W O46 44957: 
Inspection Type (please tick) 422485) (551): Final Inspection RiR Interim Inspection “Paz O Re-inspection PHR Type of Plumbing Works KẸ #2285!) : ( a 
x 5 Penalty Defects/irregularities found? (please tick) 3 
Point / SRRARWARE ZR? (HH) oP ih i id P n Details of Inspected Location Details (e.g. Brand Name/Model | Photo Taken 
- - - - panies (FW, FL, FS) Defects/irregularities (Please specify the extent and details of (refers code below, if applicable) No., if available) (YIN) 
T a a Point Y N Not Applicabi an e a EMMETT ste | ND DIEREN UA | KMR iii 
ype es o jot Applicable ` 3 ARRIR BED + Ale a or e ue g if i ? y fi 
Bi BE OKERLUND) | KEES R ae E z pay Pe a a a emma a renee. S ARD =) (ENRE) 
FRAKE ERER Eita 
(1) Tanks made of material not allowed or not complied with the 
prescribed standard P 
KALEN FA BERT FE ENE 
(2) No control valve at inlet fed by gravity P 
TEA AK ALR FURR (AR APE tl Fa) 
(3) No automatic control switch for inlet of storage tank fed by 
pumped supply P 
AaB AR ALAN AK fit) Fl Ae A BE KAY S Pel BAA 
(4) No control valve/drain-off pipe at outlet P 
HHA ick > Pe RL EK 
(5) Overflow pipe of fresh water tank not made of a corrosion- 
resisting material P 
KKEL RE E Pt EY cni 
(6) Overflow pipe undersized P 
REVERTA 
(7) Invert of the inlet or the outlet of ball float valve less than 25mm 
above the top of the overflow pipe P 
AKE BIBER ESRI EK Bi AE EY TB BE 25 ES 
(8) Overflow pipe connected to a drain or sewer or to the overflow 
pipe from another tank P 
(C) Storage [RUE REPEK: RAK E 
Tanks 
EZKE (9) Fresh water tank connected for storage of water other than that 
supplied from the waterworks P 
PKK RERE E BEFAR K 7K E AAN BEERS IZK 
(10) Water tank not easily accessible or safe access by ladder not 
provided P 
ELA Ais EAA H 
(11) Tank not provided with lockable covers P 
KELER ET EARE AE 
(12) Storage capacity exceeds the maximum permitted capacity p 
BEZK TEA ET FRB ZK 
(13) No physical break between potable & non-potable tanks P 
TAARIA K PIS PT 
(14) Ball float valves or floats made of material not allowed or not 
complied with the prescribed standard P 
RROA A Pit ARET EERE TERENIE 
(15) Ball float valve/float operated valve improperly installed/provided P 
PERI PASTE (EDIE EET 
(16) Fresh water tank not provided with lockable double sealed 
covers D 
PEKKALA DTI E: 
of WWOAWWR i ion or suspension of the plumbers licence. 
m) communal riser 
aaa? [on) communal riser pip 
(a) intermediate tank ‘PI 
lfe) break pressure tank supply points 333 
break nk BEAK sel spine. ou ine ~ SITE ek 
ASN HGH 
WSD Inspection Si 
Signature 454 
Name #£4% 
Post Sitfit 
Date Ast] 














Appendix 1 





General Information —jg Ép} 


Date of Inspection #122 H HH: 


TICK THIS BOX IF NO ONLINE REPLUMBING 











AAEE (IC EK > SAE 





Inspection Checklist 22354 
(Section D) (D2) 








Premises Address jf ffitttik: 





Name of Licensed Plumber #3 fi! 7k 0G: T 4E: 





Plumber's Licence Number Kug r eee Sets: 





Serial Number of Form WWO46 #2#8WW O46459 58: 





Inspection Type (please tick) R5] (#21): 














Final Inspection FRZ 














Interim Inspection H HARZ 











Re-inspection #3722 








Type of Plumbing Works 7K T23] : ( )* 
































notify affected customers not to use tap water 
for drinking and cooking purposes (where 
applicable) 

JB Ee HAS HEED HB A SP 
HERA KEOKF Be BF 8 (A038 A) 





A B Penalty Defects/irregularities found? (please tick) 
Point / BRAAMBIALE ZR? (EA EW. we a |Defects/irregularities (Please specify the extentand| Details of Inspected Location | Details (e.g. Brand Name/Model | Photo Taken 
Contravention of WWO / WWR or Non-compliance | Demerit ( ‘Hl ) details of defects/irregularities, if any) (refers code below, if applicable) No., if available) (Y/N) R i x 
Type with WA's Requirements Point Yes No Not Applicable |e y. ppp « papet | TOSET EEZEGTE » IMRT ERTS [EARN EAE FTRS | A OORA R| AH ernarks p 
Es bal HR (KEERD | OKERE) R Ha} Æ 5 7A K) kii aheenat) > Wa FA) #8) (EIRA) 
FRAKE NBR ava 
(1A) No low initial leaching rate fittings installed D 
RAZEN Bice 
(1B) Fittings installed have not been pretreated 
for online re-plumbing works D 
BERS TE (IL EHO KEL FEA IS 
Ha 
(2) No temporary water supply arrangement 
implemented on site (where applicable) D 
AEEA PEDER EKAS EE (A) 
(D) Online 
Re-plumbing 
EMLEK |(3) No arrangement implemented on site to 





(4) Online re-plumbing works were carried out 
but has not been specifically mentioned in 
plumbing proposal D 
CTS i BROKE LER > (USA EK Ee THE 
ap BH het Be 








(5) Solder joints were adopted on site but has 
not been specifically mentioned in plumbing 
proposal /WWO 46 D 
CARER OHO, DAHER 
/WW 0462248 PS HH Bete 










































E GUEDE I 


(d) Separ: 
(€) Constructi 
Photos shoul 





en on defects / irregularities AAF AIET RE ZEA 


AEPD ¥ 


lation or suspension of the plumber's licence. 





Code for Inspected 








(a) underground pip 





(£) master meter positio 


f(m) communal riser pi 








(h) check 





(a) communal down- 








G) meter pos 





OK 











(o) irrig 

















ase specify ESH 























ASN PAER: 








WSD Inspection Staff KB AA 


Signature 3% : 
Name #£% : 


Post fiz + 
Date FISH : 





Licensed Plumber #7 7K0REE 


Signature #& : 





Name #£% : 





Plumber's Licence No. 
KUR NERA © 





Date FISH : 
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General Information —{g #5} Inspection Checklist G29 
Date of Inspection #43 EI$: (Section E) (EX)! 
Premises Address ffrith: 





Name of Licensed Plumber #/!#7K el: 4: 
Plumber's Licence Number 7k iff: Ehita sf: 


Serial Number of Form WW O46 2¢§WW O46¢%9 5: 


















































Inspection Type (please tick) #22485!) (#31): Final Inspection RNR O Interim Inspection HHR [O Re-inspection PAZ Type of Plumbing Works 7k #2387! : ( )* 
À R Penalty Defects/rregularities found? (please tick) R 
a IRRE? (5 ‘ype i i > 
n : - - Da H f BRR RAIA tt 2? GA (FW, FL, FS) ^ Defects/irregularities (Please specify the extent and details of defers Goals below NEFIE Details ta cae ey 
T ae Point Y N Not Applicabl ha biggles ERRES TANG | BD (DUORRE UEN | KRA pean a 
we i i, x ie = : ot Appiicabie liez + HHMI ZK AE) ARABIA EUS OR (LOE + UAT WIR ERIT RE EBB) om i 
al ME ORB RUE) | (KERE) R Ha E E TEA *) SR A) 8) (AIBA) 
AREA Ee HIER l 
(1) Sanitary fittings not properly installed / provided P 
Bi BIER ES 
(2) No stopcocks at appliances & branches P 
FS BSR AR 7k 
(3) Flushing apparatus not properly installed / provided P 
PRIER E 
(4) Heater not properly installed P 


PUKE 





(5) Use of a fitting with a threaded outlet or any device facilitating the 
connecting of rubber hose or another type of flexible hose without 
WA's written permission P 


ERREKI is EF STA F > EA REA 


























ll (SHEA BE AE ft A EE RHE 
(6) Booster pump directly fed from a main P 
ASR E H EKE hizk 
(7) Water using apparatus used or installed without permission P 
A FERR Be 23 Fk BB 
(8) No locking device for draw-off tap that is freely accessible by the 
general public D 
(E) Others AETI E HEBER HE Ke aD aie ee 
Hti 


(9) Designated products (showers for bathing, water taps and urinal 
flushing valves) used in kitchens of domestic premises and 
bathrooms and toilets of all premises not meeting the prescribed 
water efficiency requirements registered under WELS D 
AN URRA ERIE ZIDARA >» ATCA 
AKR) PA AKA eat 









(10) The flow controller not being a registered product under WELS 
or not of appropriate water efficiency grade to form a 'combined' 
water saving device that meets the prescribed water efficiency 
requirements. D 
ate PAGER Ec > RJA BAY AD Ke 
ATU MKS > AM ARRE EEEN ALK ees 















PIAR 





(11) Plumbing works not constructed according to the approved 
drawings**: 

Please give details D/NA 
KE LIBR HE 











(12) Absence of the licensed plumber from the final inspection of new 
building project after submission of WWO 46 Part IV # 














































































































































fee ft ee ee, ose fede egg -5 = D 
TEESE WW O 465R 2 te > KEKR E REA ERFA H KIA 
il initiating the procedures to del ition or suspension of the plumber's licence. ‘Code for Inspected Location i 
AB BLN (a) underground pipe and [on) communal riser pi 
ties found” colu 2 SAE AEA 7 (a) communal down-feed pi 
ng Wate \(o) feed tank for swimming pool if 
ponding type ase 
(a) Building 
(b) Buildin ARTE DKE 
ASN EG 
not applicable to new building projects involving just one detached village type house. HERLEI FANTA HP Et cbt WSD Inspection Staff 7} KA Licensed Plumber {F$ 
F FHE 
Photos should be taken on defects fine FASTERE ZEHN Signature %4 + Signature 4 + 
** Approved drawings include Drawing Nos. 5-1 Appendix II of the Guide to Application for Water Supply 
HABEAS) H RI Name #4% : Name #£% £ 
Plumber's Licence No. 
Post ifiifit + AGE HRN SEES © 


Date HHH : Date HHH : 











Appendix 2 





General Information —f&4 4} WWO 1008 (Part A) (A %5) 
Date of Inspection {RA FHA: 





























Premises Address RÆ PTHP Hh: 











Name of Licensed Plumber #7 KHET EM: 
































Plumber Licence Number 7K T hi ia oP ag: 











Serial Number of Form WW046 324% WW0O46 bak: 











Inspection Type #2844 5] : 





























































































































































































































































































































































































































































































































































































































































































































Final Inspection T4 41 Interim Inspection "PHAZE Re-inspection #4 
A B C D E F G H 
Contravention of WWO / 
WWR WWO/WWR/ 
Type (CWW) Schedule 2 ae Marking Scheme’ ea Remarks #83: 
XAH] SL CK BS HIRB) ( CER) URB / GA S4) EFIE RI" EIN 
BY) KIERR Bil) MIR 2 : 2 
( (iI) GER) 
Se ate size Eels tem > 2 zy Nose cw 2 
OER Nw Reray Rp (Ob | BOS SIH FEAT EII 
(2) Not bitumen painted or DN taune ALS 
lengths of pipework 
hessian / other suitable WWR R22 spected 
material wrapped Pa 2 anes ety | 2 
Ri LE BCA Eit / (RABI) E 22 (HK AE REN 
nee ne TKS WF EE EAA 
tis PS i 
(tse E Ye E 
(3) A bend or curve made in 
any pipe that will diminish the 
waterway or alter the internal peices Any No. of CWW 
diameter of the pipe Ge? k Sa 1 PA 1 
TKS KARE ERee tt me P! HISS 6 JA EMPERE 
IKE EEK ENA E 
A 1% 
(A) Piping CWW found in any 
i i lengths of pi k 
Gneluding T 1 (4) Used / covered up prior to [WWR R6(3) inspected Re 
pipes ane’ inspection (RABI) E 6(3) 5 nee | 5 
fittings, and (ZEA  S i ERRE REY 
connection i en, eee ay KE eR 
pipe) PÈ 
Ie Pt. 1, items 1 - 4, 
ic EHEAR Te 23, Any lengths or nos. 
pees > Di Pt. 2, items 2 - 6, of pipes, fittings, 
BeRERL IE) 12, 14 oe 1 valves, taps, 
$ 1a 1-4 > 7- materials or 
23 JA; $ 2 EE products not 
2-6 ` 12 ` 14-21 complying with 
(5) Pipe/fittings made of TA Schedule 2 Pant, 
material not allowed or not items 14, oe 
complied with the prescribed Part 2, items:2=6, 
standard 8 12, 14-21 8 
iF Ly Tt A fs 
EEE AT AIE is - (ae 2 i r 
MERRE AEAEE O 
‘ os OH. AE - 
7K BES > YS aE 
an 
581 NSB 1-4» 7- 
23 ARES 2 HSS 
2-6 ` 12 ` 14-2118 
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A B C D E G H 
Contravention of WWO / 
WWR WWO/WWR/ 
Type (CWW) Schedule 2 ray Marking Scheme” Er R isie 
B ER CORREA (UR| CRD) / G31 | Toim FER eo 
Bil) \/ OKEHE DI) Bil) BAAS 2 a j 
(HPI) GER) 
Any lengths or parts 
(6) Leaded solder used for a fresh Kue Pipes 
jointing pipes and fittings @ |Pt.1, item 15 AE eee 
BEARERS aaisa | 10 [aeucendes oie | 10 
@ Cook ok BE HE 
JA SHE 
Any No. of water 
(1) Tanks made of material not storage tank not 
allowed or not complied with PEERI made of suitable 
the prescribed standard T ae 6 {materials 
KL PRR EE P abe 2 7 FEAF ELL E R 
BRAY GALE A SE PRENK 
Any No. of water 
(2) No control valve at inlet storage tank whose 
fed by gravity Pt. 3, item 6 inlet is not provided 
FEA TK ALE DAF ARAAK IR E 3 E 6A 1 |with control valve 
FEKAS ERIS FEAL AKER DE 
FOIE fas 7K ta E 
(3) No automatic control Any No. of water 
switch for inlet of storage tank |Pt.3, item 7 & 7A storage tank with 
fed by pumped supply 3h 7R7Al 2 |CWW 
fREZKELAY AK LER AFR [DE (EHA A aK 
ERKAN H yee bal Bel AE 
Any No. of water 
(C) Storage (4) No control valve/drain-off Pt.3, item 7E storage tank with 
Tanks pipe at outlet 7 S 3 MS TB YI 1 CWW i N: 
pik [EKRE EREHE å FERTA HERA EK 
HAE 
Any No. overflow 
(5) Overflow pipe of fresh pipe not made of 
water tank not made of a ; corrosion-resisting 
; che ; Pt.3, item 7C : 
corrosion-resisting material [A ypas 1 material 
Be Raia mee FED [7° 3 BO TCR FEJERE 
EJE US ee PARE it 
Any No. of water 
(6) Overflow pipe undersized Pt.3, item 7D > pa ae 
an ae Baa FEA MERLE 
te 
(7) Invert of the inlet or the 
outlet of ball float valve less Any No. of water 
than 25mm above the top of . storage tank with 
the overflow pipe Pt.3, em 7B 1 |CWW 
AKE ROFI KO P 3 HBSS 7B A (Lal Aa RK 
Homo eA aS E 25 AE 
aK 
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A B C D E G H 
Contravention of WWO / 
WWR WWO/WWR/ 
Type , (CWW) Schedule 2 Pa Marking Scheme^ Erai Remarks f 
ZAHI] EL (KRR AR) ARBIY / GA STN PET ae RI^ sy 
Bill) \/ KIESER) Bill) R 2 5 a 
( (Bi) GEH) 
(8) Overflow pipe connected 
to a drain or sewer or to the ee 
overflow pipe from another |Pt.3, item 7D one ay 
ieee apop POR | > EERS 
Manone Peg 2 BEKO K ey TE 
FRAKE AE Fe 
(9) Fresh water tank connected 
for storage of water other than ae! nee Ka 
that supplied from the Pt.3, item 8 DaS A 
: 1 CWW 


waterworks 
BK OK HL EBLUL GRAF 
TRIS SH DAY SPT EEA 7K 










































































5 3 AS 8 IA 














FHA RZ 
AKKER E 
































(10) Water tank not easily 
accessible or safe access by 
ladder not provided 





Pt.3, item 9, 10 
55 3 BSB 9 > 10 1 















































TKEL A BIEK j Afett 
TIEZ 


























J| 


FA 











Any No. of CWW 
FEA RE 























(11) Tank not provided with 








Pt.3, item 4 




















Any No. of tank not 
provided with 
closed-fitting 




























































































































































































































































































































































































































































































lockable covers Ge tN 2 
is faye ects E 3 uE 418 lockable covers 
KELER DE] ESIR IEE RET] E 
HERRE 
Any No. of tank 
whose storage is 
(12) Storage capacity exceeds greater than the 
the maximum permitted Pt.3, item 1 1 max. permitted 
capacity 3 hes 156 capacity 
TAK See WES a AEF AK (EHRE 
S raea fie 7K SAY ZK 
anks TAE 
eK aL (13) No physical break 
t tabl = f = 
sensi camen Pt.3, item 5 3 Any No. of CWW 
ERIR (28 3 HSS 578 (ELEY 
AARD 
(14) Ball float valves or floats 
made of material not allowed Any No. of water 
or not complied with the Bee item 4 storage tank with 
prescribed standard rt z item 4 = 2 |CWW 
PERRI HENAN FP 2 HBAS 45 7H FEDER BK 
FEILER AT GENE RE 
(15) Ball float valve/float Any No. of water 
operated valve improperly . storage tank with 
installed/provided ee e i i Y 1 |cww 
PER REE ABR IFRS PAR OS FEAT EREE 
ats AE 
(E) Others a ao deg |Pt6 item 1-3 | |Any No. of CWW 
Eftr H az, B 6 abe 1-35 4 EAA] i REL 


























sy cs [i 
BaZa 
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A B C D E F G H 
Contravention of WWO / 
WWR WWO/WWR/ 
Type (CWW) Schedule 2 Pa Marking Scheme^ Erai Remarks #3 
XAH SL CK BS BHIRBID ( CER) URDD / GA iS EFIE RIJ^ =j 
Bil) \/ «ARASH BI ) Bil) E 2 a a 
( (iB) GEZ) 
(2) No stopcocks at appliances Pt.6, item 4 Any No. of CWW 
& branches Weep tei Phe 2 Tee bop a 2 
eS ale ee 
O) Ploshing apparatus AOE |” pes tenn 1S 1d Any No. of CWW 
properly installed / provided [in 2 sra 1 Ne aes 1 
PAREREA PSMB 1-11 EMEK 
(2) Healepnot properly PLA, item 1-11 Any No. of CWW 
installed ean ae 2 a ps 2 
BK RHE RES 56 4 abes 1-11 38 FET EAR EL 
(5) Use of a fitting with a 
threaded outlet or any device 
facilitating the connecting of 
rubber hose or another type of 
flexible hose without WA's : 
written permission Pt.2, Hen 11 ; Any No. of CWW | 
TERK IGS STAY |B 2 BES 11 FEAR RE 
EDT > EHANA 
RE” KERE ERARA 
eee ee re EE 
Zs HÆ 
Any No. of booster 
(6) Booster pump directly fed |WWR R23(2) pump directly fed 
from a main (BY SB 23(2) 3 from a main 3 
PPR ERE HK IR (EHAR EE KE 
ZR EUS ERR 
Any No. of water 
(7) Water using apparatus using apparatus 
used or installed without used or installed 
ermission WWR-R24 1 [without permission | 1 
P 5 as 
KR (ee FH BEEBE FAK GRBI) F 24 (eR Fa AGEL FE 
ft aAA ZKA 
ABS 

































































CWW = Contravention of WWO/WWR 3852 CKIS2E HG) / OKIS | Total Penalty Points | | 



































































































































jeka) ABS : 
@IFf this contravention of WWO/WWR item is found, the Licensing ASN PEE : 
Authority will consider initiating the procedures to deliberate cancellation or 

suspension of the plumber's licence. Signature BY : 
@wes UES COKER) / CORT BI) > BENGE SA SL 

SATE > DARPA SERIES re SASF IS EER o Name #£% : 
a If more than one CWW of the same item are found in an inspection, penalty Post Fè 
point will be counted once. 

EIA SL] TA MST IG» BR aon 

EI o 

















Note - If a contravention of WWO/WWR item fits the descriptions of more than one penalty point item, then only the penalty point item 
of the highest mark shall apply. 
ES - MRSA OKEERE / CRB ahi) NIT GS SIR Baa > HE REA re TA e 






































































































































For inspection of above plumbing type, please enter in Column G the penalty point corresponding to the contravention of WWO/WWR 
items identified. If there is no contravention of WWO/WWR, please enter "0". If inspection is not applicable to above plumbing type, 
please enter "N/A". 

ERR ERKE LR IR > a TE GARREC OKIRATA HAES e Waa Ete 
CAKES RHR) / OKIE Eee > RES 0) e See RS ERKE Al > aS | RA i e 
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General Information —}g ÉE} 
Date of Inspection {RA 








H #H: 








WWO 1008 (Part B) (B 2) 





Premises Address EPH, 














rib: 








Name of Licensed Plumber #f#i7K le 














FEZ: 





Plumber Licence Number 7K 








JE hH a ae tis: 




















Serial Number of 








Form WW046 224% WW0O46 ie: 








































































































































































































































































































































































































































































































Inspection Type #2244 5] : 
Final Inspection T4 41 Interim Inspection "HAZ Re-inspection riz 
A B C D E F G H 
Non-compliance with Water Demerit Demerit 
Type Fil Authority' a requirement pe Point De Sehe met Point | Remarks fèt 
(NC) BG 204} EDH 204) 
RE AK He BA BOR i i 
Any pipes or 
fittings installed / 
used were not of 
the materials 
(7) Not of the materials already accepted 
already accepted by the Water by the WA in 
Authority (WA) in WWO 6 WWO 1149 6 
(A) Piping |1149 7 SEI EFA EAA ZK 
(including all ZFFEFE WWO1149 Zt A7K eases » ME 
pipes and EPO REARS Pps GIELE 
ee WMO 9 2 
nip) ARE C BEN 
(EIEI Any connection 
PEER! , l pipes or fittings 
Fa AN -X<. . 
; : installed / used 
RFR) |(8) Connection pipes not of the wéatetiotiorihe Sie 
sizes or at the position already already accepted 
accepted by the WA 2 by the WA 2 
BER LIEK a BOE Dee tes FA EAGT BE 
at RP BAC PEE ER 
TIJEKA ia 
CRAANR YS 
Meter position / 
check meter 
position not at 
suitable height 
above the floor 1 
TR 3.2.2.1 ns 
ZL, FE FL. E] IEZA iva 
(B) Meter TR3.2.4.1 and TR ale hinougsiuans 
Position / ! 3.2.6.1 AYSHE H DA EKN 
Check Meter (1) Not properly provided / D BESE 
PE installed KERK 5 : 7 
Position = [ue LBA 3.2.2.1 > HERTS Meter installed in a 
ERIE [A= $ A 5 4.1 BERGA landscape area with 
AT ERA Kihi a clear working 
BOK 3.2.6.1 headroom less than 
2m 2 
RES ay 
KÉR > LAPT EY 
PREEDI 
>K 
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A B C D E F G H 
Non-compliance with Water Demerit Demerit 
Type 385] sag os cua as pe Point eee Point | Remarks (2+ 
ZB xX A eR = 
KRAKE EEIE aA nad 
Meters not 
arranged in groups 
and housed in 
meter rooms / 
boxes / cabinet / 2 
chamber 
KER 1 JES HE 
BN Be ISAEAK GR 
EU 
(2) Meter room / box not 
located at the hoarding recess TR 3.2.5.1 Any No. of NC 
area of the construction site ke ij if 3251 3 FE(O AR EF BERR 3 
ESL ARI aE Rte] [PTER 3.2.5. 7 
AE at 
(3) No loose jumper stopcock TR 3.1.6 Any No. of NC 
at inlet side of the meter HITER 3.1.6 4 EIAEEORR | 4 
TK BRA ZK ti BZ pane By 
(4) Working clearance at 
check meter position not 
meeting the minimum TR 3.3.5.3 pane 
requirement HEIER 3.3.5.3 5 m ERRA 2 
ISRA TEE SA E = 
Bl ARBOR 
TR 3.1.7 (for 
connection > 40 
mm dia.); 
TR 3.1.10 (for salt 
(5) No non-return valve water flushing 
provided on the delivery side |supply) Any No. of NC 
of the meter Porem 4 EMP FBERR |4 
sek OND ke RAE a 
(B) Meter hpg 3.1.70 IHS ae 
Position / >40 KAN RERY 
Check Meter IPE) > Fe fr BET 
Position 3.1.10GH ARF 
FR DLAN HIER BIRKE) 
f (6) No fullway gate valve TR 3.1.5 Any No. of NC 
provided before meter position KER 315 4 |CEATARAFBEREK |4 
KERRIER D Ea ads BL 
(7) Meter room/meter cabinet 
not satisfying the architectural a SALATA Any No. of NC 
requirements emak 1 AR RBER I | 
TREES ZR GENUS A El ESE 3.2.2.4(a)(h) By 
BSR 2.2.4(a) = 
(16) Fresh water tank not ah eras 
(C) Storage |provided with lockable double Any No. of NC 
storage tank) a: Fine op 
Tanks _|sealed covers EATER 6 HEPIAAEERR | 6 
RAKE [AKKALE] ESA EES | ene By 
BRE Sets te oe JINN WN 
pe A EZ) 
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A B C D E F G H 
Non-compliance with Water Demerit Demerit 
Type SRI sara? s requirement Ref Point Marine scliemes Point | Remarks {è} 
NC) 25 x Braet >x 
ZR EAR EOIOR a ee 
No low initial 
leaching rate 
fittings 
installed/fittings 
installed have not 
been pretreated for 
(1) No low initial leaching rate online re-plumbing 
fittings installed/fittings Section 4.7.1 and works or LP unable 
installed have not been 4.7.5 of Guide to to provide records 
pretreated for online re- Application for of pre-treatment of 
plumbing works Water Supply 8 fittings 
STEN IL EK EAZ PREKE E 12S 
(EAE AS RCT / PAZZA 14.7.1 J 4.7.5 Efi KRE / ZE] 
MAATRE MERKET 
WERA PASC 
KORIE > KFF 
KURT ABEL 
Te Fe JAEN 
(ESk 
No temporary 
water supply 
arrangement for 
drinking and 
cooking purposes 
implemented on 
(D) Online Re- site or LP unable to 
plumbing Section 3.3.2 and provide sufficient 
ll fic EKE |(2) No temporary water supply |4.7.5 of Guide to site photos or 
arrangement implemented on /Application for records of 
site (where applicable) Water Supply 4 ee raryawarer 4 
RATA Be iS HE KY PEK E aes 
E( Qn 44 3.3.2 BA 4.7.5 Á Truh p a 
AHER H) s ia SOF TESA BEE 
Hanley PE ZK ACHELE 
RARE 
ik REKI 
PrN Be te Bk EA 
AY Sta A Bac, 
oh > IPARES 
EIS BKC 
No arrangement 
impl t 
(3) No arrangement E nee i 
implemented on site to notify Section 3.3.2 of affected customers 
affected customers not to use : 
ene Guide to not to use tap water 
tap water for drinking and Sek co 
. Application for for drinking and 
cooking purposes (where 4 : 4 
Water Suppl cooking purposes 
applicable) PPY SAAS TES EH 
2B HH yee EE AEE) AL anf a OK HSS |B iA EAEN, Tit 
> J ES FS 2 3 3 2&5 ZEHE asa Tz AY 
AVE UK BEEK PoP a aie Ss 
(ORF BL Oe FA CAO) a. 
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A B C D E F G H 
Non-compliance with Water Demerit Demerit 
Type SFI saga? s requirement phe Point Marke nelieme? Point | Remarks f 
NC) BG 204} BET ae A+ 204} 
FR ok BSE a 3 
Online re- 
(4) Online re-plumbing works Secti pee ier 
: ection 3.3 of were carried out 
were carried out but has not f buttot tioned 
beens ificall ti di Guide to l ut no men lone 
pecifically mentioned in ane uab 
lumbing proposal Application for AAEE 
P 8 prop I 10 roposal 10 
ETEME KELE. Wate Supply De a 
epe anara EAK E d(T TF fi BEA 
(IQA TEKS TC Ea al Pu fof mE, gA 
men 3.3 BH KETE Z 
f fe E7 ET. Bat 
SHIA 
(5) Solder joints were adopted Section 3.3.1 of 
on site but has not been pees Pane 
specifically mentioned in ree +s i fi Any No. of NC 
plumbing proposal /WWO 46 ae nee 2i 10 MERIAGEEEX | 10 
EERIK awe i PPY 
; ? žE HE ok te 2 [<A BL 
YA F RE a pat BA ZK F 5s 
[WWO46 Iti ABE EPEA a 
; f TR 4.2.5.4 (F 
(8) No locking device for oe ie Any No. of draw- 
draw-off tap that is freely usase OE off tap without 
accessible by the general sees locking device 
public ER 4 eoa | 4 
ZK FT E BRSKA RRR ENV PE7K EAZ 
se >See 4.2.5.4 FATA = 
anionic! ARK EF EEK) = 
(9) Designated products 
(showers for bathing, water 
taps and urinal flushing 
valves) used in kitchens of 
domestic premises and Any No. of 
bathrooms and toilets of all designated 
premises not meeting the products not 
prescribed water efficiency [TR 731 meeting the water 
requirements registered under £547 BE 7.3.1 3 efficiency 3 
WELS eas poe 
CEERRPTOUEE AS + DURA ARNAR 
(E) Others ARINA AEFI > Sian KIIRE 
Hi | rE AHS EERO TE Emi 
JE > KRESAA E PZK 
D REE eS RS 
SI PAUE K EK 
(10) The flow controller not 
being a registered product 
under WELS or not of 
appropriate water efficiency Any No. of flow 
grade to form a 'combined' controllers not 
water saving device that meets meeting the water 
the prescribed water efficiency |TR 7.4.1 efficiency 
requirements. eaa, BEE 7.4.1 3 requirements 3 
Riten bJ EAKA ika FE(A AR EFS Ak 
ay PAE Em » BaP S Olt BORA ET Tt 
aT Aca SDL 228 Bt 
HER y Bi7K Se Aft 
FREE BUEN KROSS 
ok 
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A B C D E F G H 
Non-compliance with Water Demerit Demerit 
Type 185 ee oot pe = ee a = Remarks #2: 
RAG Be BY BOR : Ë 
(11) Plumbing works not 
constructed according to the 
approved drawings* 
KE TIER HEA ERE 
(a) Plumbing works constructed 
do not comply with mandatory 
requirements in the Technical 
Requirements for Plumbing Relevant TR Any No. of NC 
Works in Buildings (please clauses PA 5 EERE 5 
specify relevant TR clause(s)# |A RAFIK z 
) 
CRS LRA CE 
FAKE LAE HiT BER ) I pä 
SPAY Ber BOR G8 fa HHA BAEZ 
fT BER ADR 
) 
(b) Plumbing works constructed 
do not violate any mandatory 
requirements in the Technical 
Requirements for Plumbing revision of 
Works in Buildings NA approved 
CK AERA (FE INA NA INA AR | NAA AG |drawings is 
FKE LATER) AZ | AR HFA AS 28 2 J raea e 
STAN! a {lig BESK A is BMEC LA 
Please specify the ERJ 
inconsistencies with the 
approved drawings 
J Co HL AE hel AAR 
Licensed plumber 
(12) Absence of the licensed absent from the final 
plumber from the final Section 4.3.3 of inspection of new 
inspection of new building Guide to building project 
project after submission of Application for after submission of 
WWO 46 Part IV ^ Water Supply 5 [WWO 46 PartIv | 5 
TEREX WWO 46 SB 00859 AKESE TEREX WWO 46 $B 
12> FPR ERF 14.3.3 Bi WITZ te > REE 
TA HARZ ^ ZA UE EEEE EE 
FARRAR MR 
NC = Non-compliance FREEK Total Demerit Points 
Please tick if applicable 4038/5284 7 FSUIV 5E zaas : 
ie This item is not applicable to new building projects involving just one detached | ASN sesame | 
village type house. 
^ ETERS FBS RG REAN ee ESI A e Signature #% : 
















































































+ If more than one NC of n same item are found in an inspection, demerit point 
will be counted once. 





Name %4% : 
+ EE RES RE 3 BST RAP ER > BLT DL Post FRI : 






























































Fie Date 














*Approved drawings include Drawing Nos. p 11 in Appendix II of the Guide to Application for Water Supply. 

FERHEGE (PPKS |) Bee IS 5-11 5ER 

**The responsible LP should come to WSD office to revise the approved drawings within 3 working days upon receipt of WWO 1008. 
EKO AEE WWO 1008 (R= RA ES SS tAE bel Al) 

# The clauses specified in Item E(11) shall not duplicate with the clauses already covered in other items of WWO 1008. 

#E(11) AAA ER BESTE WWO 1008 HATA HARARE 

For inspection of above plumbing type, please enter in Column G the demerit point corresponding to the non-compliance items identified. If 
there is no non-compliance, please enter "0". If inspection is not applicable to above plumbing type, please enter "N/A". 

TERR EM KE LEI > GATE GRRR Cait rea K a ETERAJ H Ee BOD ° MÉRNI te B BORA 
Do? RER 0, 9 WR aS EARE A > BRS PA 
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Appendix 3 
Worked Examples under the PDPS 


A) Criteria to issue warning letter 


Warning letter will be issued under the following scenarios: 


























Scenario | Total Penalty Points | Total Demerit Points given Example 
given in one in one inspection! 
inspection! (defects in Part B of WWO 
(defects in Part A of 1008) 
WWO 1008) 
1 10 or more penalty any number of demerit points | Total Penalty Points: 13 
points including 0 demerit points Total Demerit Points: 3 
2 1/2/3/4/5/6/7/8/9 a moe detoa Total Penalty Points: 3 
penalty points P Total Demerit Points: 22 





Warning letter will not be issued under the following scenarios: 


























Scenario | Total Penalty Points | Total Demerit Points given Example 
given in one in one inspection! 
inspection! (defects in Part B of WWO 
(defects in Part A of 1008) 
WWO 1008) 
3 0 penalty points any number of demerit points Total Penalty Points: 0 
including 0 demerit points Total Demerit Points: 22 
1/2/3/4/5/6/7/8/9 ee Total Penalty Points: 4 
penalty points Rahan emer Roms Total Daai Points: 8 





Note: 


1. For the avoidance of doubt, an inspection (irrespective of no. of visit/days) shall mean an 


inspection arranged for the parts/whole of the works mentioned in the respective Form WWO 


46 Part IV submitted. Penalty points and demerit points marked in an inspection will not be 
carried over to the subsequent re-inspection(s). 


Appendix 4 
Worked Examples under the PDPS 


B) Commutation of penalty as demerit points for assessment of LP’s performance 






































Example: 
Inspection Total Penalty Point received in | Total Demerit Point received in 
projects completed! in 2020 projects completed! in 2020 
Project 1 | Project 2 | Project 3 | Project 1 | Project 2 | Project 3 
Final 2 2 0 5 0 0 
Re-inspection 0 0 - 2 0 - 
Interim 0 0 0 1 0 0 
commuted demerit 
+ — = 
point? (2+2)x2=8 (5+2+1) =8 
LP’s performance 
as in Jan 2021 3-4 n E 














Note: 

1. A project is defined as the works under an approved plumbing proposal and undertaken by 
the LP as covered and specified in a Form WWO 46. The date of completion of a project 
shall mean the date of issuance of Form WWO 46 Part V(a) for the final inspection. 

2. One penalty point is commuted as 2 demerit points for the calculation. 

3. The performance of LP will be ranked in January each year based on the average rate 
calculated by adding the total of commuted demerit points from penalty points and demerit 
points received by him under the PDPS in inspections of plumbing projects completed in 
the previous year divided by the total number of completed plumbing projects. 

4. Penalty points and demerit points received in inspections of plumbing project which has 
not been completed in a particular year will be carried over to the year when the plumbing 
project is completed for performance assessment purpose. For example, for a project 
commenced in 2019 and completed in 2020, all the penalty and demerit point received in 
2019 — 2020 will be carried over for assessment in January 2021. 


